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NOTES 

t. for legend see dwg. |e-1. for general notes. 
a88REvwtk)ns and lighting fixture schedule see 

DW. ft— 2 

2 ' r?Jl,r^ AL n SP S I AT,0N STACE 1 SEQUENCE OF INSTAL— 
lAIRJN SEE DWG. f E— 4 

3. FOR HVAC CONTROL WIRING DIAGRAM & DETAILS SEE 
DWG. fE-108. 

4. IN STAGE J, TEMPORARY FEEDER L— 5-TEUP. SHALL SUPPLY 
POWER TO PNL 0P-75S WITH ONLY CKI'S. 0P-75S-8 J 1 , 1 2 
AND 14 CONNECTED. W STAGE 1J, AFTER FEEDER L-5-TEMP. 
(S REMOVED AND REPLACED BY FEEDER 1=3, CONNECT 
OTHER FEEDERS TO PNL OP-75S vwmcw 



KS-75-3 fP-75-1-2 FP-TS-i 
tWC UMT CO*. FREEZE PIWP CO*. f^EEZE PUUP 


sbe«t 137 or 224 



ONE LINE DIAGRAM 

HVAC UNITS AND RELOCATED FEEDERS, 
FOR FDR. SIZE SEE SCHEDULE THS DWG. 
N.T.S. 
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